

















BOROUGH OF NELSON. 


-*% REPORT 2@ 


ON 


Sanitary Conveniences at Mills. 


Destructor Works, 
NELSON, 
181TH June, 1902. 


To the Chairman and Members of the 
Health Committees. 


GENTLEMEN, 


In accordance with a resolution passed some time ago, 
I now submit the following report upon the Sanitary Conveniences, 
provided in connection with the various Mills within the Borough. 


There are 26 Mills in Nelson, in the occupation of 105 tenants, 
and providing accommodation for about 34,884 Looms, which find 
employment for some 10,788 workpeople. 


The condition of each of the premises is dealt with in detail in 
the body of the report, and I have prepared a summary giving the 
number of workpeople of each sex per closet, at each shed, and 
shewing the nature of the water supply used for flushing purposes. 


Asa minimum standard of accommodation, I have taken | closet 
to every 30 Males, with the additional provision of Urinals, and 1 
closet to every 20 Females, and where this standard is not reached I 
have classed the accommodation as insufficient. In some cases the 
accommodation for the weaving shed is below the standard, whilst 
the average for the whole premises works out satisfactorily, In 
these cases I have allowed the average to stand, although in some 
instances the warehouse Closets, whilst bringing up the average, are 
badly placed for use by the weavers. No doubt some difficulty in 
apportionment is experienced in cases where the tenancies are 
changed, and the number of looms per tenant is varied, but in the 
majority of cases of insufficiency the mill as a whole is at fault. In 












the erection of new mills it would conduce to much greater uniformity 
if the Closet Accommodation was based on the capacity of the build- 
ing, and placed in the open air so as to be generally available. 


The question of Water Supply for Flushing purposes is one of 
great importance, and the use of warm water for this purpose cannot 
be too strongly condemned, It causes an intolerable nuisance, par- 
ticularly in summer, and gives rise to numerous and well justified 
complaints by the operatives. Warm water is extensively used in 
Nelson for flushing mill closets, and the evil effects are most notice- 
able in the summer months and during the afternoons. The general 
practice is to supply water for flushing from a tank, which is filled by 
a pump from the river, canal, or lodge, the same tank being used to 
supply water to the condensers. In the early morning this water is 
comparatively cool, but as the day wears on it gradually gets 
warmer, until towards evening it is frequently 120 degrees F. to 150 


degrees F. 


The practice requires to be put a stop to, and failing the use of 
town's water for flushing, which is the proper remedy, a great im- 
provement might be effected by the use of a separate tank for 
flushing water, of a capacity slightly in excess of one day's require- 
ments, to be filled in the early morning whilst the river water, etc., 
was cool. 


There are other defects of a less serious character, in connection 
with the accommodation at various sheds, which are set out in the 
detailed report. In order to remedy these, and to place the Sanitary 
Conveniences of the whole of the mills in a thoroughly satisfactory 
condition, I beg to submit the following recommendations for your 
approval, which, if carried out, will, I believe, render the Sanitary 
condition of the mill closets beyond reproach :— 


1. The provision of sufficient Water Closets to meet the standard 
previously referred to. 


2. The provision of Cold Water for Flushing purposes. 


3. The abolition of hand-flushed Trough Closets, which are de 
pendent upon the supervision of some attendant, and at the 
best are filthy and objectionable, and the substitution of 
automatically flushed, or ordinary Water Closets. 























































The placing of all inside Water Closets against an external 
wall, and the provision of adequate lighting, and ventilation 
to the open air. 







5, All inside soil pipes to be removed to the outside, carried at the 
full diameter above the roof, and ventilated. If an inside 
soil pipe cannot be dispensed with, to be carried through 
roof at full diameter and ventilated, 








All inside closets to discharge into proper soil pipes as above, 
and not into rain water spouts. 






7. Entrances to the closets for each sex to be separate, and closets 
for Females to be properly partitioned or screened off. All 
doors to be legibly marked in paint according to the sex 
for which they are intended. 








8. Urinals for Males to be provided where none exist, and a 
constant water flush provided therefor. In many instances 
the urinals are a much more serious nuisance than the 
closets, owing to the absence of, or defective nature of flush. 
Many of the urinals are simply gully grates placed in some 
corner of the premises. Proper slabs or urinal basins 
should be provided. 








9. Means of ventilation, when provided, to be kept open and in 
working order, and not blocked up. 










I am, Gentlemen, 
Your obedient servant, 


J. A. PRIESTLEY, A.S.I., 







Inspector. 
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DETAILED REPORT. 





LOMESHAYE MILLS. 
Owners—W. Ecroyd and Sons, Ltd. 
Occupiers—W. Ecroyd and Sons, Ltd. 

North Shed—600 Looms. Weavers—Males 70, Females 80. 
3 Trough Closets and 2 Urinals for Males. Proportion 1 to 23. 
3 Trough Closets for Females. Proportion 1 to 27. 


South and Back Sheds.—1420 Looms. » Weavers—Males 165, Females 
190. 


5 Trough Closets, 1 W.C., and 1 Urinal for Males. Proportion 
1 to 27. 


6 Trough Closets for Females. Proportion 1 to 32. 


Winding and Beaming Room.—40 Females. 
1 Water Closet. Proportion 1 to 40. 


Twisters, Loomers, Dressers, ete-—70 Males. . 
4 Water Closets and 1 Urinal. Proportion 1 to 18. 


Mechanics’ Shop.—1 Water Closet and 1 Urinal. 


Trough Closets flushed by Automatic Tipplers; W.C.’s by hand- 
pulled Cisterns; Cold water supply from Mill Lodge and River ; 
Closets built against external walls; Sexes separated and doors 
marked ; Good ventilation. 


LOMESHAYE BRIDGE MILLS. 
Owners—W. Ecroyd and Sons, Ltd. 
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Occupiers—The same. : 
532 Looms. Weavers—Males 65, Females 68. 

2 Trough Closets and 2 Urinals for Males. Proportion 1 to 37. 

2 Trough Closets for Females. Proportion 1 to 34. 

These Closets are flushed by hand, having no automatic arrange- 
ment. 
Warehousemen and Twisters—15 Males. 

2 Water Closets. Proportion 1 to 8. 

Trough Closets built adjoining shed; W.C.'s inside but dis- 
charging into outside soil pipe, properly ventilated ; Sexes separated 
and doors marked ; town's water supply. 
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Shed occupied by John Wilkinson. 
554 Looms. Weavers—Males 74, Females 66. 

2 Water Closets for Males. Proportion 1 to 37. 

4 Water Closets for Females. Proportion 1 to 16. 
Warehousemen Dressers, ete—47 Males. 

4 Privies and 1 Urinal with Tanks. Proportion 1 to 12. 


Water Closets adjoining Shed, Privies in Yard; Town’s water 
supply ; Sexes separated and doors marked ; no available sewer for 
Privies. 

WHITEFIELD MILL. 
Owners—Whitefield Room and Power Company. 
Occupier—Fred Driver. 

87 Looms. Employees—Males 20, Females 17. 

1 Privy and 1 Urinal for Males, Proportion 1 to 20, 

1 Privy for Females. Proportion 1 to 17. 

Privies in yard; No available sewer ; Sexes separated but doors 
not marked ; No flush to Urinal. 
Shed occupied by Ss. Sunderland & Co. 
216 Looms. Weavers—Males 26, Females 28. 

1 Water Closet for Males. Proportion 1 to 26. 

1 Water Closet. for Females. Proportion 1 to 28. 
Warehouse, ete.—Males 20, Females 2. 

2 Water Closets. Sexes not marked. Proportion 1 to 11. 


Water Closets for Warehouse in cellar, discharging into inside 
soil pipe, not ventilated ; W.C.’s in shed discharge into outside soil 
pipe carried above roof and ventilated 3; Closet for Females in shed, 
door marked, but no other ; Town's water supply; Sexes separated. 


Shed occupied by Holdsworth, Hartley & Co. 
136 Looms. Employees—Males 25, Females 19. 

1 Water Closet for Males. Proportion 1 to 25, 

1 Water Closet for Females. Proportion 1 to 19. 


Closets in cellar discharging into outside soil pipe carried above 
roof and ventilated; Sexes separated and one door marked 
“Females”; Town’s water. 
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Shed occupied by Sutcliffe, Bateson & Co. 


264 Looms. Employees—Males 34, Females 36. 
2 Water Closets, sex not marked. Proportion, if for Males, 1 
to 17. 
1 Water Closet marked “ Females.” Proportion 1 to 36. 


_ 2 Water Closets adjoining warehouse; 1 in warehouse; the 
latter discharges into outside soil pipe carried above roof and ven- 
tilated ; Sexes separated but only one door marked; Town’s Water 


supply. 
Shed occupied by Arthur Shaw, J. & J. Roberts, and 
E. Nuttall & Co. ’ 
Shaw.—64 Looms. Employees—Males 11, Females 9. 
Roberts—64 Looms. Employees—Males 10, Females 10. 
Nuttall—128 Looms. Employees—Males 20, Females 23. 
1 Trough Closet and 1 Urinal for Males. Proportion 1 to 41. 
2 Trough Closets for Females. Proportion 1 to 20. 


Closets flushed by hand, built in open ar adjoining Warehouse ; 
Urinal without flush ; Town’s water supply ; Sexes separated, Males 
from one place go to closet in other, and Females the same; one door 
marked ‘“‘ Males,” the others unmarked. 


Shed occupied by J. Speak & Co., and W. Brown & Co. 


Speak —240 Looms. Employees—Males 36, Females 36. 
Brown.—120 Looms. Employees—Males 17, Females 15. 
4 Trough Closets for Males. Proportion 1 to 13. 

4 Trough Closets for Females. Proportion 1 to 13. 


Closets flushed by hand; Built in open air adjoining Warehouse ; 
Town’s water supply; Sexes separated but doors not marked. 


Shed occupied by Wm. Fell & Co., Ltd. 

540 Looms. Employees—Males 106, Females 70. 
2 Water Closets and 1 Urinal for Males. Proportion 1 to 53. 
2 Water Closets for Females. Proportion 1 to 35. 


New Closets built out in yard; Town’s water supply; Sexes 
separated and doors marked; Proper flush to Urinal. 
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Shed occupied by the Nelson Self-Help Co., Ltd. 
378 Looms. Employees—Males 58, Females 63. 
1 Trough Closet and 1 Urinal for Males. Proportion 1 to 58. 
2 Trough Closets for Females. Proportion 1 to 31. 


Closets flushed by hand; Town’s water supply ; Sexes separated 
and two doors marked “ Females Only,” other door not marked; 
Urinal without water; Closets built in the open air adjoining Ware- 
house. 

SPRING BANK MILL. 

Owners—The Spring Bank Room and Power Company. 
Shed occupied by Reed & Dyson. 

1,016 Looms. Weavers—Males 150, Females 170. 


4 Trough Closets, 2 Water Closets, and 2 Urinals for Males. 
Proportion 1 to 25. 


2 Trough Closets and 2 Water Closets for Females. Proportion 
1 to 42. 


Winding Room—Females 16, 

1 Water Closet. Proportion | to 16. 
Warehouse, etc.—Males 22. 

1 Water Closet. Proportion 1 to 22. 


Trough Closets flushed by hand; Water Closets for Winders and 
Warehousemen discharge into Rainwater Spouts; Water supply from 
cistern on roof, being condensing water and canal water, warm at 
times ; Sexes separated but doors not marked; Shed Closets built on 
Canal side. 


Shed occupied by John Waimsiey, Sons & Co., Ltd. 
460 Looms. Weavers—Males 62, Females 63. 


2 Trough Closets and 1 Urinal for Males. Proportion 1 to 31, 
4 Trough Closets for Females. Proportion 1 to 16. 
Winding Room and Warehouse—Males 10, Females 12. 
1 Water Closet for Males. Proportion 1 to 10. 
1 Water Closet for Females. Proportion 1 to 12. 


Trough Closets built adjoining shed and flushed by hand; Water 
Closets in Warehouse discharging into rainwater spout ; Water supply 
as above; Sexes separated but doors not marked. 
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8 
Shed occupied by The Peel! Manufacturing Co., Ltd. 


223 Looms. Weavers—Males 25, Females 26. 

2 Trough Closets for Males. Proportion 1 to 12. 

2 Trough Closets for Females. Proportion 1 to 13. 
Dressers and Twisters—Males 17. | 

1 Water Closet. Proportion 1 to 17. 


Trough Closets adjoining shed and flushed by hand; Water 
Closet inside and discharging into rainwater spout; Water supply 
warm at times, from cistern on roof; Sexes separated and doors 
marked. 


Shed occupied by John Moorby. 


186 Looms. Weavers—Males 36, Females 26. 

1 Water Closet for Males. Proportion 1 to 36. 

1 Water Closet for Females. Proportion 1 to 26. 
Warehouse, etc——Males 8. 1 Water Closet. Proportion 1 to 8. 


1 Water Closet built adjoining shed, 2 inside; 1 in Warehouse 
discharges into rainwater spout; Water supply warm at times, from 
cistern on roof; Sexes separated and doors marked. 


LAUREL BANK MILL. 


Owned by the Laurel Bank Room and Power Company. 

Occupied by John Wilkinson. 
987 Looms. Weavers—Males 127, Females 120. 

4 Privies and 1 Urinal for Males. Proportion 1 to 32. 

4 Privies for Females. Proportion 1 to 30. 
Warehousemen, Twisters, Dressers, etc.—Males 71. 

3 Water Closets. Proportion 1 to 24. 1 Urinal with flush. 
Winders—Females 16. 1 Water Closet, Proportion 1 to 16, 


Privies on Canal side; Sexes separated and doors marked ; 
Closets for Males without seats; No sewer available ; Water Closets 
in Warehouse discharge into outside soil pipes carried above roof and 
ventilated ; Closets not sufficiently ventilated ; Entrance to Closets 
for Winders and Warehouse side by side and not partitioned off ; 
Town's water supply; 1 door marked “Females” and 1 marked 
“Males,” 2 unmarked. 
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SEEDHILL MILL. 
Owned by John Whittaker, Ltd., occupied by same at present. 


1,222 Looms. Weavers—Males 150, Females 155. 
5 Privies and 5 Urinals for Males. Proportion, 1 to 30. 
3 Privies for Females. Proportion 1 to 52. 


Warehouse and Twisters—Males 22. 
1 Water Closet. Proportion 1 to 22. 


Winders and Beamers—Females 46. 
1 Water Closet. Proportion 1 to 46. 
Privies on Canal side; Sexes separated and doors marked; No 
sewer available ; Water Closets inside, 1 discharges into outside and 
1 into inside soil pipes, both carried above roof and ventilated ; 
W.C. for Males not provided with means of ventilation; Town's 
water supply; Sexes separated but doors not marked. 


PENDLE STREET MILLS. 
Owned by the Pendle Street Room and Power Company. 
Shed occupied by Wm. Hartley, Ltd. 


604 Looms. Weavers—Males 70, Females 74. 

2 Water Closets for Males. Proportion 1 to 35. 

4 Water Closets for Females. Proportion 1 to 18. 
Twisters and Winders-—Males 15, Females 15. 

1 Water Closet for each sex. Proportion 1 to 15. 
Warehousemen, ete.—1 Privy and 1 Urinal in yard. 

W.C.’s for shed built in open air adjoining shed ; Sexes separated 
but doors not marked ; 2 Water Closets inside discharging into outside 
soil pipe carried above roof and ventilated ; Sexes separated but doors 
not marked; Town’s water supply. 


Shed occupied by J. H. Wilson & Co. 


526 Looms. Weavers—Males 60, Females 70. 
1 Water Closet and 1 Urinal for Males. Proportion 1 to 60. 
4 Water Closets for Females. Proportion 1 to 18. 

Winders, Twisters, etc—Males 14, Females 13. 

1 Privy and 1 Urinal for Males. Proportion 1 to 14. 

1 Privy for Females. Proportion 1 to 13. 

Water Closets built adjoining shed; Sexes separated but doors 
not marked; Town’s water supply; Urinal provided with pipe for 
flushing ; Privies in yard, under notice to alter ; Sexes separated but 
doors not marked. 
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Shed occupied by James Tattersall & Sons. 


560 Looms. Weavers—Males 60, Females 65. 
1 Water Closet and 1 Urinal for Males. Proportion | to 60. 
2 Water Closets for Females. Proportion 1 to 33. 


Twisters and Winders—Males 14, Females 8. 

1 Privy and 1 Urinal for Males. Proportion 1 to 14. 

1 Privy for Females. Proportion | to 8. 

Water Closets adjoining shed; Sexes separated but doors not 
marked; Water supply often warm, condensing water supplemented 
by Town’s supply ; Urinal provided with flush ; Privies in yard under 
notice to alter; Sexes separated but doors not marked. 


Shed occupied by F. Wilkinson & Co., Ltd. 


~ 812 Looms. Weavers—Males 100, Females 103. 
* 2 Trough Closets and 2 Urinals for Males. Proportion 1 to 50. 
1 Trough Closet and 2 Water Closets for Females. Proportion 
1 to 34. ‘ 


Twisters, Winders, ete—Males 15, Females 16. 
1 Privy and 1 Urinal for Males. Proportion 1 to 15. 


1 Privy for Females. Proportion 1 to 16. 
Closets adjoining shed; Trough Closets flushed by hand; Sexes 


\ separated but doors not marked; Town's water supply; Urinals 
| without flush ; Privies in yard, under notice to alter ; Sexes separated 
ill but doors not marked. 


Vii ; ALBERT MILLS. 
, Owned by the Albert Mills Company, Ltd. 


| 


1 Water Closet for Males. Proportion 1 to 60. 
1 Water Closet for Females. Proportion 1 to 70. 


ai Warehouse, Twisters, and Winders—Males 20, Females 12. 
Hit 2 Water Closets for Males. Proportion 1 to 10. 
2 Hi 1 Water Closet for Females. Proportion 1 to 12. 
7 i 2 Water Closets adjoining shed; Sexes separated but doors not 
; 
i 


i Shed occupied by A. Watson & Co., Ltd. 
418 Looms. Weavers—Males 60, Females 70. 


marked; 3 Water Closets inside discharging into outside soil pipe 

f carried above roof; Water supply from cistern on roof, being con- 
densed water from tapes and engines; Warm; Sexes separated but 

i doors not marked, 
i 
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Shed occupied by Hartley & Co., Ltd. 
943 Looms. Weavers—Males 110, Females 160. 

4 Water Closets for Males. Proportion 1 to 27. 4 Urinals. 

4 Water Closets for Females. Proportion 1 to 40. 
Warehouse, Twisters, and Winders—Males 50, Females 12. 

2 Water Closets for Males. Proportion 1 to 25. 

1 Water Closet for Females. Proportion 1 to 12. 


8 Water Closets adjoining shed; Sexes separated and doors 
marked; 3 Water Closets inside discharging into inside soil pipe 
carried through roof and ventilated; Sexes separated and doors 
marked ; Closets ventilated to open air; Water supply warm, from 
cistern on roof; Urinals with flush. : 


Shed occupied by Croasdale Bros. 


428 Looms. Employees—Males 61, Females 76. 
2 Water Closets and 1 Urinal for Males. Proportion 1 to 30. 
2 Water Closets for Females. Proportion 1 to 38. 


Warm water supply from cistern on roof; Urinal in cellar; 
situation dark; Water supply to Urinal; Closets well ventilated ; 
Sexes separated and doors marked. 


BRADLEY SHED. 
Owned by the Bradley Room and Power Company, Ltd. 
Shed occupied by Clegg, Stanworth & Co. 
460 Looms. Weavers—Males 60, Females 65. 
2 Latrine Closets for Males. Proportion 1 to 30. 
2 Latrine Closets for Females. Proportion 1 to 33. 


Twisters and Winders, ete——Males 10, Females 10. 
1 Trough Closet for each sex. Proportion 1 to 10. Urinal for 
Males. 


Latrine Closets flushed by automatic tipper; Trough Closets 
hand-flushed; Urinal in yard without flush; Water supply from 
cistern on roof pumped from river, tepid; Latrine Closets separate 
for sexes, doors marked ; Trough Closets in yard ; Sexes separated but 
doors not marked ; All Closets in open air. 
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Shed occupied by Riddick, Stuttard & Co. 


420 Looms. Weavers—Males 50, Females 55. 
2 Trough Closets and 1 Urinal for Males. Proportion 1 to 25. 
4 Trough Closets for Females. Proportion 1 to 14. 


Dressers, Twisters, and Winders—Males 30, Females 16. 

1 Trough Closet for Males. Proportion 1 to 30. 

1 Trough Closet for Females, Proportion 1 to 16. 

All Closets in open air; flushed by hand; Sexes separated but 
doors not marked; Water supply from cistern on roof; Urinal with- 
out flush. 





Shed occupied by Walton, Dyson & Co. 


510 Looms. Weavers—Males 60, Females 68. 
4 Water Closets for Males. Proportion 1 to 15. 
4 Water Closets for Females. Proportion 1 to 17. 


Warehouse, Winders, etc—Males 10, Females 10. 

1 Tipper Closet for each sex. Proportion 1 to 10. 

All Closets in open air; Sexes separated and doors of Water 
Closets marked, but Tipper Closet doors not marked ; Water supply 
from cistern on roof. 


Shed occupied by Richard Roberts. 


320 Looms. Weavers—Males 40, Females 40. 
3 Trough Closets and 1 Urinal for Males. Proportion 1 to 13. 
1 Trough Closet for Females. Proportion 1 to 40. 


Warehouse, Dressers, Winders, etc——Males 24, Females 6. 

1 Trough Closet for Males. Proportion 1 to 24. 

1 Trough Closet for Females. Proportion 1 to 6. 

All Closets in open air and flushed by hand ; Sexes separated and 
shed Closet doors marked, others not marked; Water supply from 
cistern on roof; Urinal without flush ; Closet accommodation badly 
apportioned. 


Shed occupied by Seth Sutcliffe. 


160 Looms. Employees—Males 22, Females 24. 

1 Trough Closet and 1 Urinal for Males. Proportion 1 to 22. 

3 Trough Closets for Females. Proportion 1 to 8. 

All Closets in open air and flushed by hand; Urinal without 
flush; Sexes separated and two doors marked “ Females,” others 
not marked; Water supply from cistern on roof. 
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Shed occupied by Helliwell Bros. 
120 Looms. Employees—Males 21, Females 15. 

1 Trough Closet and 1 Urinal for Males. Proportion 1 to 21. 

1 Trough Closet for females. Proportion 1 to 15. 

Closets in open air and flushed by hand; Urinal without flush : 
Sexes separated and doors marked; Water supply from cistern on 
roof. 

Shed occupied by H. Ridehalgh & Son. 
288 Looms. Weavers—Males 48, Females 48. 

1 Trough Closet and 1 Urinal for Males. Proportion 1 to 48. 

2 Trough Closets for Females. Proportion 1 to 24. 
Warehouse, Winders, etc—Males 10, Females 6. 

1 Trough Closet and 1 Urinal for Males. Proportion 1 to 10. 

1 Trough Closet for Females. Proportion 1 to 6. 

All Closets in open air and flushed by hand; Urinals without 
flush ; Sexes separated /and shed Closet doors marked, others not 
marked ; Water supply from cistern on roof. 

Shed occupied by — Pickles. 
21 Looms. Employees—Males 4, Females 2. 
Use Tipper Closets in yard, also used by Walton, Dyson and Co.'s 
Warehouse hands. 


THROSTLE NEST MILL. 

Owned by the Throstle Nest Room and Power Company, Ltd. 
Shed occupied by T. Duerden. 
117 Looms. Employees—Males 11, *Females 18. 

1 Water Closet for Males. Proportion 1 to 11. 

1 Water Closet for Females. Proportion 1 to 18. 

Closets built against external wall and discharging into outside 
soil pipe carried above roof and ventilated; Town’s water supply ; 
Sexes separated and doors marked. 


Shed occupied by H. Ridehalgh & Son. 
184 Looms. Employees—Males 30, Females 20. 

1 Trough Closet, 1 W.C., and 1 Urinal for Males. Proportion 

1 to 15. 

1 Trough Closet for Females. Proportion 1 to 20. 

Trough Closets in yard flushed by hand; Water Closet inside 
discharging into outside soil pipe, carried above roof and ventilated ; 
Sexes separated, doors marked; Urinal with flush; Town's water 


supply. 








14 





Shed occupied by Bracewell & Duerden. 
460 Looms. Employees—Males 65, Females 70. 
2 Trough Closets and 1 Urinal for Males. Proportion 1 to 33. 
4 Trough Closets for Females. Proportion 1 to 18. . 
Closets in yard and fiushed by hand; Water supply, condensed 


water from engines supplemented by Town’s water, warm; Sexes 
separated and doors marked. 


* 


Shed occupied by Shaw Bros. 


376 Looms. Employees—Males 52, Females 62. 

2 Water Closets for Males. Proportion 1 to 26. 

2 Water Closets for Females. Proportion 1 to 31. 

Closets in yard; Town's water supply; Sexes separated and 
doors marked. 


Shed occupied by J. T. Whittaker. 
114 Looms. Employees—Males 16, Females 16. 
2 Water Closets for Males. Proportion 1 to 8. 
1 Water Closet for Females. Proportion 1 to 16. 


Closets in yard; Town's water supply ; Sexes separated and . 
doors marked. 2» 


BANKFIELD MILL. 
Owned by the Bankfield Mill Company, Ltd. 
Shed occupied by James Dyson & Sons. 


650 Looms. Weavers—Males 70, Females 90. 
2 Latrine Closets and 1 Urinal for Males. Proportion 1 to 35. 
3 Latrine Closets for Females. Proportion 1 to 30. 
2 Latrine Closets with doors locked. Not in use. 


Dressers, Beamers, and Winders—Males 15, Females 8. 

2 Water Closets for Males. Proportion 1 to 8. 

1 Water Closet for Females. Proportion 1 to 8. " 

Latrine Closets in open air and flushed by automatic tipper ; 
Water Closets inside without ventilation to the external air, dis- 
charge into outside soil pipe carried inside and then through roof 
and ventilated ; Sexes separated and doors marked ; Urinal without 
flush; Water supply to Latrine Closets warm condensing water 
from cistern on roof. 
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_ Shed occupied by Richard Landless. 


450 Looms. Employees—Males 64, Females 61. 


.5 Latrine Closets and 4 Urinals for Males. Proportion 1 to is. 


4 Latrine Closets.for Females. Proportion 1 to 15. 

Latrines flushed by automatic tippers with warm water; Urinals 
without flush; All Closets in open air; Sexes separated but doorg 
not marked. ~ 

VULCAN MILL. 


Owned by Richard Haighton, Ltd. 


. Shed occupied by Helm Bros. & Co. 


166 Looms. Employees—Males 32, Females 24. 


1 Water Closet for Males. Proportion 1 to 32. 
1 Water Closet for Females. Proportion 1 to 24. 
Closets inside, dark and not ventilated to external air; dis- 


_charge into outside soil pipe carried above roof and ventilated ; 


Sexes separated and one door marked “ Males,” other not marked ; 
Water supply warm from cistern on roof. 


Shed occupied by Bolton & Shaw. 
210 Looms. Employees—Males 38, Females 30. 


1 Water Closet and 1 Urinal for Males. Proportion 1 to 38. 

1 Water Closet for Females. Proportion 1 to 30. 

Closets inside and not ventilated to external air; discharge 
into outside soil pipe carried above roof and ventilated; Sexes separ- 
ated but doors not marked; Warm water supply from cistern on 
roof; Urinal with flush. 


OAK BANK MILL. 
Owned by the Oak Bank Mill Company, Ltd. 
Occupiers—W orthington and Wilkinson. 
1,140 Looms. Employees—Males 181, Females 164, 


5 Latrine Closets and 2 Urinals forMales. Proportion 1 to 36. 
9 Latrine Closets for Females. Proportion 1 to 18. 
2 Water Closets for Office use. : 

_ Latrine Closets in open air; Sexes separated, 9 doors marked, 
others not marked; Water Closets inside discharging into inside 
soil pipe, not properly ventilated; Warm water supply, condensing 
water, temperatures taken, 112, 116 and 119 degrees F.; Urinals 
without flush. 


- 
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HENDON MILL. 
Owned by the Hendon Mill Company, Ltd. 
Occupiers—Burton, Fletcher and Uttley. 
960 Looms. Employees—Males 146, Females 142. 

5 Latrine Closets and 2 Urinals for Males. Proportion 1 to 29. 

4 Latrine Closets for Females. Proportion | to 36. 

Closets in open air; Sexes separated, six doors marked, three 
not marked; Water supply, condensing water from engine, said to 
be supplemented by Town's water when this gets too hot; Urinals 
flushed by condensed water from steam pipe. 






MILL AT BOWLING ROW. 
Owned by the Nelson Co-operative Society. 
Occupiers—Normanton and Co., Ltd. 
532 Looms. Weavers—Males 65, Females 68. 
3 Water Closets and 2 Urinals for Males. Proportion 1 to 22. 
5 Water Closets for Females. Proportion 1 to 14. 
Twisters, Winders, etc-—Males 10, Females 14. 
1 Water Closet and 1 Urinal for Males. Proportion 1 to 10. 
2 Water Closets for Females. Proportion | to 7. 
Closets in open air; Sexes separated and doors for Females 
marked, others not marked ; Warm water supply, condensing water 
‘from engines; Urinals with flush ; Closets well arranged. 


BRIDGE MILLS. 
Owned by the Bridge Mill Co., Ltd. 


° Shed occupied by C. M. Landless. 
102 Looms. Employees—Males 20, Females 14. 


Shed occupied by C. Herbert & Co. 
56 Looms. Employees—Males 11, Females 6. 


Shed occupied by Paul Greenwood. 
21 Looms. Employees—Males 3, Females 2. 
1 Latrine Closet for Males. Proportion 1 to 34. 
1 Latrine Closet for Females. Proportion 1 to 22. 
Closets in the yard side by side without any partition ; Flushed 
by cistern from time to time, not automatic; Warm water supply 
from cistern on roof, pumped from river; Doors not marked. 
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Shed occupied by Smith, Collinge & Greenwood. 
208 Looms. Employees—Males 30, Females 33. 
2 Latrine Closets and 1 Urinal for Males. Proportion 1 to 15. 
2 Latrine Closets for Females. Proportion 1 to 16. 


Closets built adjoining shed; Ventilation inadequate; Sexes 
separated but doors not marked; Flushed by automatic tipper with 
warm water from cistern on roof; Urinal without flush. 


Shed occupied by Ambrose Smith. 
208 Looms. Employees—Males 31, Females 30. 
2 Latrine Closets and 1 Urinal for Males. Proportion 1 to 16 
1 Latrine Closet for Females. Proportion 1 to 30. 


Closets built adjoining shed; Sexes separated but doors not 
marked ; Flushed by automatic tipper with warm water from cistern 
on roof; Urinal without flush. 


Shed occupied by George Landless. 
415 Looms. Weavers—Males 52, Females 50. 
2 Latrine Closets for Males. Proportion 1 to 26. 
2 Latrine Closets for Females. Proportion 1 to 25. 
Dressers, Twisters, and Winders—Males 23, Females 8. 
2 Latrine Closets for Males. Proportion 1 to 12. 
1 Water Closet for Females. Proportion 1 to 8. 


Shed Closets built adjoining shed; Sexes separated but doors 
not marked ; 2 Latrine Closets in the yard; the Water Closet inside 
winding room, not ventilated to the external air and discharging 
into rainwater pipe; Flushed by automatic tipper with warm water 
from cistern on roof. 


Shed occupied by S. Smith & Co. 
110 Looms. Employees—Males 17, Females 14. 


Shed occupied by Slater & Son. 
104 Looms. Employees—Males 23, Females 16. 


1 Water Closet and 1 Urinal for Males. Proportion 1 to 40. 

2 Water Closets for Females. Proportion 1 to 15. 

Closets in the yard; Sexes separated and doors marked; Warm 
Water supply from cistern on roof; Urinal without flush. 








. 
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VICTORIA MILLS. 
Owned by Joseph Lonsdale. 
Shed occupied by Walton Bros. 






320 Looms. Employees—Males 77, Females 40. 


Shed occupied by Riley & Sutcliffe. 





96 Looms. Employees—Males 14, Females 12. 

2 Latrine Closets and 1 Urinal for Males. Proportion 1 to 45. 

3 Latrine Closets for Females. Proportion 1 to 17. 

Closets in yard ; Sexes separated but doors not marked ; Flushed 
by automatic tipper with water pumped from river into cistern on 
roof ; Urinal with flush. 

Shed occupied by J. & E. B. Riley. 
| q | 132 Looms. Employees—Males 31, Females 22. 

2 Trough Closets and 1 Urinal for Males. Proportion 1 to 15. 
2 Trough Closets for Females. Proportion 1 to 11. 
Closets adjoining shed ; Flushed by hand with warm water from 
cistern ; Sexes separated but doors not marked ; Urinal without flush. 
Shed occupied by Hey Bros. 

60 Looms. Employees—Males 9, Females 8. 


a Shed occupied by J. Hargreaves. 
60 Looms. Employees—Males 8, Females 8. 
1 Latrine Closet and 1 Urinal for Males. Proportion 1 to 17. 





1 Latrine Closet for Females. Proportion 1 to 16. 


Closets in yard, flushed by automatic tipper with warm water 
from cistern on roof; Urinal without flush; Sexes separated but 
doors not marked. 


Shed occupied by Haythornthwaite & Slater. 
116 Looms. Employees—Males 18, Females 15. 
1 Latrine Closet and 1 Urinal for Males. Proportion 1 to 18. 
1 Latrine Closet for Females. Proportion 1 to 15. 


Closets in yard, flushed by automatic tipper with warm water 
: from cistern on roof; Urinal without flush; Sexes separated but 
doors not marked. 











19 


Shed occupied by C. Townsley & Co. 
144 Looms. Employees—Males 24, Females 18. 
1 Trough Closet for Males. Proportion 1 to 24. 
1 Trough Closet for Females. Proportion 1 to 18. 


Closets are in the yard, with doors side by side without any 
partition, and doors not marked; Flushed by hand; Water supply 
warm, from cistern on roof, 


WALVERDEN MILL. 

Owned by Exors. of Sarah Thompson. 

Shed occupied by the Pendle Manufacturing Co., Ltd. 
244 Looms. Employees—Males 35, Females 37. 

2 Latrine Closets and 1 Urinal for Males. Proportion 1 to 18. 

1 Latrine Closet for Females. Proportion 1 to 37. 

Closets in open air adjoining shed ; the Closets for this mill are 
arranged in one long range, and are flushed periodically from large 
cistern with water pumped from river; warm; Sexes separated but 
doors not marked; Urinal without flush. 


Shed occupied by Hoiden Bros. 
128 Looms. Employees—Males 25, Females 20. 
1 Latrine Closet for Males. Proportion 1 to 18. 
1 Latrine Closet for Females. Proportion 1 to 16. 
Closets situated and flushed as above; Sexes separated but doors 
not marked. 


Shed occupied by Riley Bros. 
128 Looms. Employees—Males 25, Females 20. 
1 Latrine Closet for Males. Proportion 1 to 25. 
1 Latrine Closet for Females. Proportion 1 to 20. 
Closets situated and flushed as abaye; Sexes separated but 
doors not marked. 


Shed occupied by H. J. T. Watson. 
102 Looms. Employees—Males 17, Females 15. 
1 Latrine Closet for Males. Proportion 1 to 17. 
2 Latrine Closets for Females. Proportion 1 to 8. 
Closets situated and flushed as above; Sexes separated but 
doors not marked. 
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HOLME MILLS. : 
Owned by Horsfall and Dent. 
Shed occupied by Carrington & Dewhurst. 
307 Looms. Employees—Males 44, Females 44. 
3 Water Closets and 1 Urinal for Males. Proportion 1 to 15. 
1 Water Closet for Females. Proportion 1 to 44. 


2 Closets are in Warehouse, side by side and not separated for 
sexes ; No ventilation to external air ; Doors marked ; 2 Closets adjoin- 
ing shed, and ventilated to external air; were intended for both 
sexes but are now marked “ Males,” being difficult of access and not 
screened off ; Water supply deficient and warm, being pumped from 
river; Urinal with flush. 


Shed occupied by Miles Greenwood. 
24 Looms. Employees—-Males 4, Females 2. 
1 Water Closet for Males. Proportion 1 to 4. 
1 Water Closet for Females. Proportion 1 to 2. 


Closets inside shed, and ventilated by six-inch shaft in roof; 
Separated for sexes but doors not marked; Water supply deficient 
and warm, pumped from river. 


Shed occupied by Henry Horne. 
28 Looms. Employees—Males 10, Females none. 
2 Water Closets, one marked “ Males,” the other “ Females.” 


Closets inside shed, dark and not well ventilated ; Water supply 
deficient, water pumped from river, warm ; Sexes separated and doors 
marked; these Closets served for two sheds, but one is at present 
unoccupied. 


Shed occupied by — Robinson. 
84 Looms. Employees—Males 12, Females 11. 
1 Water Closet for Males. Proportion 1 to 12. 
1 Water Closet for Females. Proportion 1 to 11. 


Closets inside shed, dark and not well ventilated ; Water supply 
from river, warm; Sexes separated and doors marked. 
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Shed occupied by H. Rawson. 
60 Looms. Employees—Males 8, Females 7. 
1 Water Closet for Males. Proportion 1 to 8. 
1 Water Closet for Females. Proportion 1 to 7. 


Closets in shed, not well ventilated, discharging into outside soil 
pipe carried above roof and ventilated; Water supply deficient and 
warm ; Doors marked but not well separated for sexes. 


Shed occupied by Foulds & Bury. 
84 Looms. Employees—Males 16, Females 14. 
1 Water Closet for Males. Proportion 1 to 16. 
1 Water Closet for Females. Proportion 1 to 14. 


Closets adjoining shed and ventilated to open air; Sexes separ- 
ated but doors not marked ; Water supply warm from river. 


Premises occupied by the Walverden Sizing Co. 
Employees—Males 2. 


2 Water Closets discharging into outside soil pipe, carried above 
roof and ventilated ; Closets not ventilated to external air; Water 
supply warm from river. 


SAGAR STREET SHED. 
Owned by William Dent. 


Shed occupied by Eastwood, Hall & Co. 
168 Looms. Employees—Males 23, Females 21. 


2 Latrine Closets and 1 Water Closet for Males. Proportion 
1 to 8. 


2 Latrine Closets for Females, Proportion 1 to 11. 


Water Closet inside warehouse, not ventilated to external air, 
discharging into outside soil pipe carried above roof and ventilated ; 
2 Latrine Closets in open air adjoining shed, flushed by automatic 
tipper; Sexes separated and doors marked; 2 Latrine Closets in 
warehouse, flushed as above; not ventilated to external air, and 
discharging into outside soil pipe, ventilated but not carried above 
roof ; doors not marked and not adequately partitioned off for sexes : 
Warm water supply from river. 
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Shed occupied by E. M. Marsden. 
100 Looms. Employees—Males 23, Females 12. 
1 Latrine Closet for Males. Proportion 1 to 23. 
1 Latrine Closet for Females. Proportion 1 to 12, Z 
Closets in warehouse ventilated to external air; discharge into 
same soil pipe as above; doors side by side and not marked; not 
properly separated for sexes ; Flushed by automatic tipper with warm 
water from river. “a 


NETHERFIELD SHED. 
Owned by Reginald Elliott and Sons. 
Shed occupied by Marsden, Nutter & Co. 
168 Looms. Employees—Males 38, Females 30. 
7 3 Water Closets for Males. Proportion 1 to 13. 
2 Water Closets for Females. Proportion 1 to 15. 
2 Closets inside warehouse on ground floor, 2 on first floor, and 1 
_in dressers’ room, discharging into outside soil pipes carried above 
: | roof and ventilated ; Closets not efficiently ventilated to the external 
air, and dark; Doors side by side and not marked; Not properly 
separated for sexes; Water supply deficient and warm; Closets on 
first floor should be apportioned for Males only, and on second floor 
for Females only. 
: i 
Shed occupied by Isaac Thompson. 
! 180 Looms. Employees—Males 35, Females 26. 
i 1 Water Closet for Males. Proportion 1 to 35. 
1 Water Closet for Females. Proportion 1 to 26. 
| Closets inside winding room upstairs, against outer wall but 
without any ventilation to external air; Discharge into inside soil 
pipe carried through roof and ventilated ; Doors side by side and yot 
| marked or partitioned off for sexes; Water supply warm from rer. 
1 
| 
| 


Shed eccupied by Bannister Wilkinson. 
! 68 Looms. Employees—Males 13, Females 11. 
1 Water Closet for Males. Proportion 1 to 13. 


1 Water Closet for Females. Proportion 1 to 11. 
Closets in cellar, very dark and without ventilation ; doors side 
by side and no partition ; Water supply warm, from river. 
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Shed occupied by Harrison & Smith. 
100 Looms. Employees—Males 15, Females 15. 


“1 Water Closet for Males. Proportion 1 to 15. 
1 Water Closet for Females. Proportion 1 to 15. 


Closets in warehouse against inside wall, not ventilated ; Doors 
marked, but not properly separated for sexes; Water supply warm 
and deficient, from river. 


Shed occupied by Thomas Mason, Ltd. 
146 Looms. Employees—Males 21, Females 21. 

1 Water Closet for Males. Proportion 1 to 21. H 
1 Water Closet for Females. Proportion 1 to 21. 


Water Closets in warehouse against inner wall, and not ventil- 
ated to external air; Separated for sexes, but doors not marked ; 
Water supply warm and deficient, pumped from river. 


BROOK STREET MILLS. 
Owned by the Nelson Room and Power Company, Ltd. 


Shed occupied by H. Fletcher. 
252 Looms. Weavers—Males 30, Females 33. 
1 Trough Closet and 1 Urinal for Males. Proportion 1 to 30. 
2 Trough Closets for Females. Proportion 1 to 16. | 
Dressers, Winders, etc.—Males 19, Females 7. 
1 Water Closet for Males. Proportion 1 to 19. 
1 Water Closet for Females. Proportion 1 to 7. 4 


Trough Closets built adjoining shed, and flushed by hand; ven- 
tilation not sufficient ; Sexes separated and doors marked; 2 Water 
Closets inside warehouse, not ventilated to external air; discharge i 
into outside soil pipe; ventilation pipe not of full diameter of soil 
pipe and not carried above roof; Urinal with flush; Water supply 
from cistern on roof pumped from river, warm at times. i 
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Shed occupied by James Clark. 
284 Looms. Weavers—Males 36, Females 35. 

1 Trough Closet and 1 Urinal for Males. Proportion 1 to 36. _ 

1 Trough Closet for Females. Proportion 1 to 35. 
Warehouse—Males 4, 1 Water Closet for Males. Proportion 1 to 4. 

Trough Closets adjoining shed, not sufficiently ventilated ; 
Flushed by hand; Sexes separated but doors not marked; Water 
Closet adjoining warehouse, but not sufficiently lighted and ventil- 
ated ; Dischargés into outside soil pipe, not sufficiently ventilated or 
earried above roof; Door not marked; Water supply warm at times, 
from river; Urinal with flush. 












Shed occupied by J. Haytock. 
102 Looms. Employees—Males 15, Females 13. 
1 Water Closet for Males. Proportion 1 to 15. 
1 Water Closet for Females. Proportion 1 to 13. 
Closets in warehouse against outer wall but not ventilated to 
external air ; Sexes separated and doors marked ; Water supply from 
river, warm. 











Shed occupied by J. Sunderland, Sons & Co. 
200 Looms. Employees—Males 34, Females 28. 
2 Water Closets and 1 Urinal for Males. Proportion 1 to 17. 
2 Water Closets for Females. Proportion 1 to 14. 
Closets adjoining warehouse, inadequately ventilated; Sexes 
separated but doors not marked ; Two shafts are provided for ventila- 


tion, but the openings from closets are too small; Water supply 
from river, warm at times; Urinal without flush. 










Shed occupied by James Clark. 
623 Looms. Employees—Males 111, Females 92. 

3 Water Closets and 1 Urinal for Males. Proportion 1 to 37. 

2 Water Closets for Females. Proportion 1 to 46. 

Closets adjoining warehouse, dark and badly ventilated; doors 
marked but closets not properly separated for sexes; Urinal with 
pipe for flushing, but position and arrangement not satisfactory ; 
Water supply from river warm at times. 

Engineers’ Shop and Boiler House——1 Water Closet in yard for 
Males only. 



































i 
i] 
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Shed occupied by the Southfield Manufacturing Co., 
. , Limited. 


199 Looms. Employees—Males 44, Females 26. 
1 Trough Closet and 1 Urinal for Males. Proportion 1 to 44. 
1 Trough Closet for Females. Proportion 1 to 26. 


Closets adjoining shed, and not sufficiently ventilated ; Flushed 
by hand; Sexes Separated but doors not marked; Urinal with flush ; 
Water supply deficient and warm at times, river water from cistern r 
19 Males and 2 Females are employed in warehouse and have to go 
through entire length of shed to closets; 2 W.C.’s should ‘be pro- 
vided for these. 


Shed occupied by Baidwin, Dixon & Thomas. 
250 Looms. Employees—Males 34, Females 32. 

1 Trough Closet and 1 Urinal for Males. Proportion 1 to 34, 

1 Trough Closet for Females. Proportion 1 to 32. 

Closets adjoining shed and not sufficiently ventilated; Flushed 
by hand ; Closet for Females marked, other not marked ; Sexes separ- 
ated ; Urinal with flush ; Water supply deficient and warm at times; 
River water from cistern. 


WALVERDEN SHED. 

Owned by the Walverden Room and Power Company, Ltd. 

Shed occupied by J. Wallbank & Co., Ltd. 
596 Looms. Employees—Males 74, Females 79. F 

2 Trough Closets and 1 Urinal for Males. Proportion 1 to 37. 

2 Trough Closets for Females. Proportion 1 to 40, 

Closets adjoining warehouse, in open air; Flushed by hand; 
Doors marked; Entrances side by side and not partitioned off for 
sexes; Urinal without flush ; Water supply from cistern, pumped 
from river. 


Shed occupied by J. Sunderland, Sons & Co. 
444 Looms. Employees—Males 74, Females 56. 

4 Water Closets for Males. Proportion 1 to 19, 

4 Water Closets for Females. Proportion 1 to 14. 

Closets for Males in warehouse, against external wall but means 
of ventilation stopped up; not well lighted; discharge into outside 
soil pipe carried above roof and ventilated; doors not marked ; 
Clesets for Females adjoining shed and not sufficiently ventilated ; 
Doors marked ; Water supply from cistern on roof. 





. —- ’ ~—* -. 
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Shed occupied by J. Dixon. 
15 Looms. Employees—Males 3, Females 1. 


Shed occupied by John Dean. 
51 Looms. Employees—Males 12, Females 9. 
1 Water Closet for Males. Proportion 1 to 15. 
1 Water Closet for Females. Proportion 1 to 10. 


Closets in open air; Sexes separated but doors not marked ; 
Water supply from cistern, pumped from river. 


VALE STREET MILLS. 
Owned by the Nelson Room and Power Company, Ltd. 


Shed occupied by Mather & Co. 
574 Looms. Weavers—Males 70, Females 73. 
3 Water Closets and 1 Urinal for Males. Proportion 1 to 23. 
2 Water Closets for Females. Proportion 1 to 37. 
Warehouse and Winders—Males 18, Females 10. 
1 Water Closet for Males. Proportion 1 to 18. 
1 Water Closet for Females. Proportion 1 to 10. 


Shed closets in cellar against outer wall and ventilated to ex- 
ternal air by louvred windows; Sexes separated but one door not 
marked; Urinal with flush; 1 Water Closet on first floor for ware- 

| house, 1 on second floor for winders; discharge into inside soil pipes 
not carried through roof or ventilated; Closets not ventilated to 
external air; Water supply pumped from river, and being on higher 
end of stream does not get so warm as below. 


Shed occupied by J. Atkinson. 
60 Looms. Employees—Males 12, Females 8. 
1 Water Closet and 1 Urinal for Males. Proportion 1 to 12. 
1 Water Closet for Females. Proportion 1 to 8. 
Closet for Females in cellar, door not marked ; ventilated to ex- 
ternal air, but louvres blocked up with paper; Closet for Males on 
first floor, discharging into inside soil pipe not carried through roof 
r or ventilated; Closet not ventilated to external air ; Urinal with 
flush ; Water supply from river. 
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Shed occupied by Burwin & Son. 
210 Looms. Employees—Males 29, Females 27. 
1 Water Closet and 1 Urinal for Males. Proportion 1 to 29. 
1 Water Closet for Females. Proportion 1 to 27. 


Closets in cellar and ventilated to external air by louvred win- 
dows; Sexes separated but doors not marked ; Urinal with flush ; 
Water supply from river. 


Shed occupied by S. & W. Ciege. 
165 Looms. Weavers—Males 23, Females 23. 


1 Water Closet and 1 Urinal for Males, Proportion 1 to 23. 
1 Water Closet for Females. Proportion 1 to 23. 


Winders—Females 3. 1 Water Closet for Females. Proportion 
1 to 3. 


Shed Closets in cellar, ventilated to external air by louvred 
windows; Sexes separated but doors not marked; 1 Closet ‘on first 
floor not sufficient ventilation ; Discharging into inside soil pipe not 
carried through roof or ventilated; Urinal with flush ; Water supply 
from river. 


Shed occupied by Holt Bros. 
641 Looms. Weavers—Males 75, Females 85. 
2 Water Closets and 2 Urinals for Males. Proportion 1 to 37. 
2 Water Closets for Females. Proportion 1 to 42. 
Warehouse, Twisters, Winders, etc.—Males 13, Females 18. 
1 Water Closet for Males. Proportion 1 to 13. 
1 Water Closet for Females. Proportion 1 to 18. 


Shed Closets in cellar, ventilated to external air by louvred 
windows ; Sexes separated but doors not marked ; Urinals with flush i 
1 Water Closet on first floor for winders, 1 on second floor for 
twisters, ete. ; both discharge into inside soil pipes not carried through 
roof or ventilated ; Closet for Females ventilated to external air by 
wooden shaft 4 inches square carried through roof; Closet for Males 
not ventilated to external air; Water supply from river, 
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Shed occupied by Burwin & Son. 
210 Looms. Employees—Males 29, Females 27. 
1 Water Closet and 1 Urinal for Males, Proportion | to 29. 
1 Water Closet for Females. Proportion 1 to 27. 


Closets in cellar and ventilated to external air by louvred win- 
dows; Sexes separated but doors not marked ; Urinal with flush ; 
Water supply from river. 


Shed occupied by S. & w. Ciege. 
165 Looms. Weavers—Males 23, Females 23. 
1 Water Closet and 1 Urinal for Males. Proportion 1 to 23. 
1 Water Closet for Females. Proportion 1 to 23. 


Winders—Females 3. 1 Water Closet for Females. Proportion 
1 to 3. 


Shed Closets in cellar, ventilated to external air by louvred 
windows ; Sexes separated but doors not marked; 1 Closet on first 
floor not sufficient ventilation ; Discharging into inside soil pipe not 
carried through roof or ventilated ; Urinal with flush 3 Water supply 
from river. 


Shed occupied by Holt Bros. 
641 Looms. Weavers—Males 75, Females 85. 
2 Water Closets and 2 Urinals for Males. Proportion 1 to 37. 
2 Water Closets for Females. Proportion 1 to 42. 
Warehouse, Twisters, Winders, etc.—Males 13, Females 18. 
1 Water Closet for Males. Proportion 1 to 13. 
1 Water Closet for Females. Proportion 1 to 18. 


Shed Closets in cellar, ventilated to external air by louvred 
windows ; Sexes separated but doors not marked ; Urinals with flush ; 
1 Water Closet on first floor for winders, 1 on second floor for 
twisters, ete. ; both discharge into inside soil pipes not carried through 
roof or ventilated ; Closet for Females ventilated to external air by 
wooden shaft 4 inches square carried through roof; Closet for Males 
not ventilated to external air; Water supply from river, 
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VALLEY MILLS. 
Owned by James Nelson. 
Shed occupied by James Crabtree. 
624 Looms. Employees—Males 95, Females 87. 
5 Latrine Closets and 1 Urinal for Males. Proportion 1 to 19. 
3 Latrine Closets for Females. Proportion 1 to 29. 


3 Closets for Males in open air, others built up to warehouse and 
not ventilated to external air; Sexes separated and doors marked ; 
Flushed by automatic tippers; Water supply from cistern on roof, 
being river and condensing water, deficient and warm. 





Shed occupied by Hartley Nelson & Co. 
253 Looms. Employees—Males 55, Females 26. 
2 Latrine Closets for Males. Proportion 1 to 28. 
1 Latrine Closet for Females. Proportion 1 to 26. 


Closets built against warehouse and not ventilated to external 
air; Flushed by automatic tipper; Sexes separated but doors not 
marked ; Water supply warm from cistern on roof. 


Shed occupied by James Nelson & Sons. 
173 Looms. Employees—Males 26, Females 24. 
3 Latrine Closets for Males. Proportion 1 to 9. \ 
2 Latrine Closets for Females. Proportion 1 to 12. 


Closets built up adjoining shed and not ventilated to external 
air; very bad means of access past looms; Flushed by automatic 
tippers; Sexes separated but doors not marked ; Water supply warm 
from cistern on roof. 


Shed occupied by James Nelson & Sons. 
1,000 Looms. Weavers—Males 120, Females 130. 
3 Latrine Closets and 2 Urinals for Males. Proportion 1 to 40. 
4 Latrine Closets for Females. Proportion 1 to 32. 











Warehouse, Twisters, Winders, etc—Males 21, Females 16. 
1 Tipper Closet for Males. Proportion 1 to 21, 
1 Tipper Closet for Females. Proportion 1 to 16. 
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Shed occupied by James Nelson & Sons, continued. 


Shed Closets for Males in open air; for Females built up against 
warehouse and not ventilated to external air; Closet for warehouse 
on first floor, not ventilated to external air; Closet for twisters on 
second floor only ventilated by broken window ; flushed by automatic 
tippers ; Tipper Closets discharging into outside soil pipe not carried 
above roof or ventilated ; Water supply warm from cistern, tested at 
$0 degrees F.; 1 Urinal with flush, other without. 


Shed occupied by Clegg, Parkinson & Co. 
504 Looms. Employees—Males 81, Females 80. 
4 Latrine Closets and 2 Urinals for Males. Proportion 1 to 20. 
2 Latrine Closets for Females. Proportion 1 to 40. 


2 Closets for Males in open air; 3 Closets without ventilation to 
external air and 1 with gauze window ; Flushed by automatic tippers ; 
Sexes separated, 2 doors unmarked; Urinals with flush; Water 
supply warm from cistern on roof. 


Engine House, Offices, ete—3 Latrine Closets for use of offices, 
engineers, etc. 


PARKFIELD MILLS. 
Owned by the Parkfield Mill Co., Ltd. 
Shed occupied by Reuben Burton, Ltd. 
232 Looms. Employees—Males 37, Females 35. 
2 Latrine Closets and 1 Urinal for Males. Proportion 1 to 18. 
2 Latrine Closets for Females. Proportion 1 to 17. 


Closets in open air, flushed by automatic tippers; Sexes separ- 
ated but doors not marked; Urinal flushed with water from tapes ; 
Water supply from tank, pumped from river. 


Shed occupied by Wainman & Co., Ltd. 
1,020 Looms. Employees—Males 147, Females 146. 
3. Latrine Closets and 1 Urinal for Males. Proportion 1 to 49. 
4 Latrine Closets for Females. Proportion 1 to 36. 


Closets for Males in open air; Closets for Females ventilated to 
external air by swivel windows; Flushed by automatic tippers; 
Sexes separated and doors marked; Urinal without flush; Water 
supply from tank, pumped from river. 














Shed occupied by Halstead, Sons & Co. 
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572 Looms. Employees—Males 80, Females 83. ¢ 
3 Latrine Closets and 1 Urinal for Males. Proportion 1 to 27. 
4 Latrine Closets for Females. Proportion 1 to 21. F 


Closets for Males in open air; Closets for Females ventilated to 
external air by swivel windows; Flushed by automatic, tippers ; 
Sexes separated but doors not marked; Water supply from tank, 
pumped from river. i 


Shed occupied by J. Tattersall. 
223 Looms. Employees—Males 32, Females 34. 
2 Latrine Closets and 1 Urinal for Males. Proportion 1 to 16. 
2 Latrine Closets for Females. Proportion 1 to 17. 


Closets in open air, flushed by automatic tippers; Sexes separ- 
ated but doors not marked; Urinal flushed by condensed water from 
tapes; Water supply from tank, pumped from river, 
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